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General Information: 

1. This supplement provides emergency building standards that were made permanent pursuant to Government Code, Sections 
11346.2 to 11347.3, adopted by the California Building Standards Commission on December 12, 2017, filed with Secretary of 
State and became effective December 13, 2017. The California Building Standards Commission issued Information Bulletin 
17-07 announcing the certified and permanent adoption of emergency regulations. 

Clarification: Emergency building standards become effective upon filing with Secretary of State after commission adop¬ 
tion. They remain in place and enforceable for only 180 days, pursuant to Government Code, Sections 11346.2 to 11347.3. 
For the emergency building standards to become a permanent adoption, the state agency initiating the emergency adoption 
must complete the required rulemaking process before the 180-day expiration date. The required process includes an oppor¬ 
tunity for the public to review and comment on the initially adopted regulatory language of the building standard. 

2. This supplement provides new or replacement blue supplement pages with building standards approved by the California Build¬ 
ing Standards Commission on an emergency basis, now made permanent, for insertion in the California Code of Regulations, 
Title 24, Part 2, Vol. 1 of the 2016 California Building Code. Existing Part 2 pages should be replaced by pages provided with 
this supplement. Instructions are provided below. 

3. Health and Safety Code, Section 18938.5, establishes that only building standards in effect at the time of the application for a 
building permit may be applied to the project plans and construction. This rule applies to both adoptions of building standards for 
Title 24 by the California Building Standards Commission and local adoptions and ordinances imposing building standards. 

4. Not all code text on the enclosed blue supplement pages is a new or amended building standard. New, amended, or repealed 
building standards are identified by margin symbols. An explanation of margin symbols is provided in the preface of the code. 

5. You may wish to retain the superseded material with this revision record so that the prior wording of any section can be easily 
ascertained. 
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clarity to indicate the location, nature and extent of the work 
proposed and show in detail that it will conform to the pro¬ 
visions of this code and relevant laws, ordinances, rules and 
regulations, as determined by the building official. 

[A] 107.2.2 Fire protection system shop drawings. Shop 
drawings for the fire protection system(s) shall be submit¬ 
ted to indicate conformance to this code and the construc¬ 
tion documents and shall be approved prior to the start of 
system installation. Shop drawings shall contain all infor¬ 
mation as required by the referenced installation standards 
in Chapter 9. 

[A] 107.2.3 Means of egress. The construction documents 
shall show in sufficient detail the location, construction, size 
and character of all portions of the means of egress includ¬ 
ing the path of the exit discharge to the public way in com¬ 
pliance with the provisions of this code. In other than 
occupancies in Groups R-2, R-3, and 1-1, the construction 
documents shall designate the number of occupants to be 
accommodated on every floor, and in all rooms and spaces. 

[A] 107.2.4 Exterior wall envelope. Construction docu¬ 
ments for all buildings shall describe the exterior wall 
envelope in sufficient detail to determine compliance with 
this code. The construction documents shall provide 
details of the exterior wall envelope as required, including 
flashing, intersections with dissimilar materials, corners, 
end details, control joints, intersections at roof, eaves or 
parapets, means of drainage, water-resistive membrane 
and details around openings. 

The construction documents shall include manufac¬ 
turer’s installation instructions that provide supporting 
documentation that the proposed penetration and opening 
details described in the construction documents maintain 
the weather resistance of the exterior wall envelope. The 
supporting documentation shall fully describe the exterior 
wall system which was tested, where applicable, as well as 
the test procedure used. 

[A] 107.2.5 Site plan. The construction documents submit¬ 
ted with the application for permit shall be accompanied by 
a site plan showing to scale the size and location of new 
construction and existing structures on the site, distances 
from lot lines, the established street grades and the proposed 
finished grades and, as applicable, flood hazard areas, 
floodways, and design flood elevations; and it shall be 
drawn in accordance with an accurate boundary line survey. 
In the case of demolition, the site plan shall show construc¬ 
tion to be demolished and the location and size of existing 
structures and construction that are to remain on the site or 
plot. The building official is authorized to waive or modify 
the requirement for a site plan when the application for per¬ 
mit is for alteration or repair or when otherwise warranted. 

[A] 107.2.5.1 Design flood elevations. Where design 

flood elevations are not specified, they shall be estab¬ 
lished in accordance with Section 1612.3.1. 

[A] 107.2.6 Structural information. The construction 
documents shall provide the information specified in Sec¬ 
tion 1603. 

107.2.7 Exterior balconies and elevated walking sur¬ 
faces. [BSC, DSA-SS, DSA-SS/CC, HCD 1, HCD 2] 


Where balconies or other elevated walking surfaces are 
exposed to water from direct or blowing rain, snow, or 
irrigation, and the structural framing is protected by an 
impervious moisture barrier, the construction documents 
shall include details for all elements of the impervious 
moisture barrier system. The construction documents shall 
include manufacturer’s installation instructions. 

[A] 107.3 Examination of documents. The building official 
shall examine or cause to be examined the accompanying 
submittal documents and shall ascertain by such examina¬ 
tions whether the construction indicated and described is in 
accordance with the requirements of this code and other perti¬ 
nent laws or ordinances. 

[A] 107.3.1 Approval of construction documents. When 
the building official issues a permit, the construction docu¬ 
ments shall be approved, in writing or by stamp, as 
“Reviewed for Code Compliance.” One set of construction 
documents so reviewed shall be retained by the building 
official. The other set shall be returned to the applicant, 
shall be kept at the site of work and shall be open to 
inspection by the building official or a duly authorized 
representative. 

[A] 107.3.2 Previous approvals. This code shall not 
require changes in the construction documents, construc¬ 
tion or designated occupancy of a structure for which a 
lawful permit has been heretofore issued or otherwise law¬ 
fully authorized, and the construction of which has been 
pursued in good faith within 180 days after the effective 
date of this code and has not been abandoned. 

[A] 107.3.3 Phased approval. The building official is 
authorized to issue a permit for the construction of founda¬ 
tions or any other part of a building or structure before the 
construction documents for the whole building or structure 
have been submitted, provided that adequate information 
and detailed statements have been filed complying with 
pertinent requirements of this code. The holder of such 
permit for the foundation or other parts of a building or 
structure shall proceed at the holder’s own risk with the 
building operation and without assurance that a permit for 
the entire structure will be granted. 

[A] 107.3.4 Design professional in responsible charge. 

Where it is required that documents be prepared by a regis¬ 
tered design professional, the building official shall be 
authorized to require the owner or the owner’s authorized 
agent to engage and designate on the building permit appli¬ 
cation a registered design professional who shall act as the 
registered design professional in responsible charge. If the 
circumstances require, the owner or the owner’s authorized 
agent shall designate a substitute registered design profes¬ 
sional in responsible charge who shall perform the duties 
required of the original registered design professional in 
responsible charge. The building official shall be notified in 
writing by the owner or the owner’s authorized agent if the 
registered design professional in responsible charge is 
changed or is unable to continue to perform the duties. 

The registered design professional in responsible charge 
shall be responsible for reviewing and coordinating sub¬ 
mittal documents prepared by others, including phased 
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and deferred submittal items, for compatibility with the 
design of the building. 

[A] 107.3.4.1 Deferred submittals. Deferral of any 
submittal items shall have the prior approval of the 
building official. The registered design professional in 
responsible charge shall list the deferred submittals on 
the construction documents for review by the building 
official. 

Documents for deferred submittal items shall be sub¬ 
mitted to the registered design professional in responsible 
charge who shall review them and forward them to the 
building official with a notation indicating that the 
deferred submittal documents have been reviewed and 
found to be in general conformance to the design of the 
building. The deferred submittal items shall not be 
installed until the deferred submittal documents have been 
approved by the building official. [OSHPD 1, 2, & 4] 
Deferred submittals shall be in accordance with the Cali¬ 
fornia Administrative Code, Chapter 7, Section 7-126. 

[A] 107.4 Amended construction documents. Work shall 
be installed in accordance with the approved construction 
documents, and any changes made during construction that 
are not in compliance with the approved construction docu¬ 
ments shall be resubmitted for approval as an amended set of 
construction documents. 

[A] 107.5 Retention of construction documents. One set of 

approved construction documents shall be retained by the 
building official for a period of not less than 180 days from 
date of completion of the permitted work, or as required by 
state or local laws. 

SECTION 108 

TEMPORARY STRUCTURES AND USES 

[A] 108.1 General. The building official is authorized to 
issue a permit for temporary structures and temporary uses. 
Such permits shall be limited as to time of service, but shall 
not be permitted for more than 180 days. The building official 
is authorized to grant extensions for demonstrated cause. 

[A] 108.2 Conformance. Temporary structures and uses 
shall comply with the requirements in Section 3103. 

[A] 108.3 Temporary power. The building official is autho¬ 
rized to give permission to temporarily supply and use power 
in part of an electric installation before such installation has 
been fully completed and the final certificate of completion 
has been issued. The part covered by the temporary certificate 
shall comply with the requirements specified for temporary 
lighting, heat or power in NFPA 70. 

[A] 108.4 Termination of approval. The building official is 
authorized to terminate such permit for a temporary structure 
or use and to order the temporary structure or use to be dis¬ 
continued. 

SECTION 109 
FEES 

[A] 109.1 Payment of fees. A permit shall not be valid until 
the fees prescribed by law have been paid, nor shall an 


amendment to a permit be released until the additional fee, if 
any, has been paid. 

[A] 109.2 Schedule of permit fees. On buildings, structures, 
electrical, gas, mechanical, and plumbing systems or alter¬ 
ations requiring a permit, a fee for each permit shall be paid 
as required, in accordance with the schedule as established by 
the applicable governing authority. 

[A] 109.3 Building permit valuations. The applicant for a 
permit shall provide an estimated permit value at time of 
application. Permit valuations shall include total value of 
work, including materials and labor, for which the permit is 
being issued, such as electrical, gas, mechanical, plumbing 
equipment and permanent systems. If, in the opinion of the 
building official, the valuation is underestimated on the appli¬ 
cation, the permit shall be denied, unless the applicant can 
show detailed estimates to meet the approval of the building 
official. Final building permit valuation shall be set by the 
building official. 

[A] 109.4 Work commencing before permit issuance. Any 

person who commences any work on a building, structure, 
electrical, gas, mechanical or plumbing system before obtain¬ 
ing the necessary permits shall be subject to a fee established 
by the building official that shall be in addition to the 
required permit fees. 

[A] 109.5 Related fees. The payment of the fee for the con¬ 
struction, alteration, removal or demolition for work done in 
connection to or concurrently with the work authorized by a 
building permit shall not relieve the applicant or holder of the 
permit from the payment of other fees that are prescribed by 
law. 

[A] 109.6 Refunds. The building official is authorized to 
establish a refund policy. 

SECTION 110 
INSPECTIONS 

[A] 110.1 General. Construction or work for which a permit 
is required shall be subject to inspection by the building offi¬ 
cial and such construction or work shall remain accessible 
and exposed for inspection purposes until approved. 
Approval as a result of an inspection shall not be construed to 
be an approval of a violation of the provisions of this code or 
of other ordinances of the jurisdiction. Inspections presuming 
to give authority to violate or cancel the provisions of this 
code or of other ordinances of the jurisdiction shall not be 
valid. It shall be the duty of the owner or the owner’s autho¬ 
rized agent to cause the work to remain accessible and 
exposed for inspection purposes. Neither the building official 
nor the jurisdiction shall be liable for expense entailed in the 
removal or replacement of any material required to allow 
inspection. 

[A] 110.2 Preliminary inspection. Before issuing a permit, 
the building official is authorized to examine or cause to be 
examined buildings, structures and sites for which an applica¬ 
tion has been filed. 

[A] 110.3 Required inspections. The building official, upon 
notification, shall make the inspections set forth in Sections 
110.3.1 through 110.3.10. 
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[A] 110.3.1 Footing and foundation inspection. Footing 
and foundation inspections shall be made after excavations 
for footings are complete and any required reinforcing 
steel is in place. For concrete foundations, any required 
forms shall be in place prior to inspection. Materials for 
the foundation shall be on the job, except where concrete 
is ready mixed in accordance with ASTM C94, the con¬ 
crete need not be on the job. 

[A] 110.3.2 Concrete slab and under-floor inspection. 

Concrete slab and under-floor inspections shall be made 
after in-slab or under-floor reinforcing steel and building 
service equipment, conduit, piping accessories and other 
ancillary equipment items are in place, but before any con¬ 
crete is placed or floor sheathing installed, including the 
subfloor. 

[A] 110.3.3 Lowest floor elevation. In flood hazard areas, 
upon placement of the lowest floor, including the base¬ 
ment, and prior to further vertical construction, the eleva¬ 
tion certification required in Section 1612.5 shall be 
submitted to the building official. 

[A] 110.3.4 Frame inspection. Framing inspections shall 
be made after the roof deck or sheathing, all framing, fire- 
blocking and bracing are in place and pipes, chimneys and 
vents to be concealed are complete and the rough electri¬ 
cal, plumbing, heating wires, pipes and ducts are 
approved. 

110.3.4.1 [HCD 1] Moisture content verification. 

Moisture content of framing members shall be verified 
in accordance with the California Green Building Stan¬ 
dards Code (CALGreen), Chapter 4, Division 4.5. 

[A] 110.3.5 Lath, gypsum board and gypsum panel 
product inspection. Lath, gypsum board and gypsum 
panel product inspections shall be made after lathing, gyp¬ 
sum board and gypsum panel products, interior and exte¬ 
rior, are in place, but before any plastering is applied or 
gypsum board and gypsum panel product joints and fas¬ 
teners are taped and finished. 

Exception: Gypsum board and gypsum panel products 
that are not part of a fire-resistance-rated assembly or a 
shear assembly. 

[A] 110.3.6 Fire- and smoke-resistant penetrations. 

Protection of joints and penetrations in fire-resistance- 
rated assemblies, smoke barriers and smoke partitions 
shall not be concealed from view until inspected and 
approved. 

[A] 110.3.7 Energy efficiency inspections. Inspections 
shall be made to determine compliance with Chapter 13 
and shall include, but not be limited to, inspections for: 
envelope insulation R- and {/-values, fenestration {/-value, 
duct system /{-value, and HVAC and water-heating equip¬ 
ment efficiency. 

[A] 110.3.8 Other inspections. In addition to the inspec¬ 
tions specified in Sections 110.3.1 through 110.3.7, the 
building official is authorized to make or require other 
inspections of any construction work to ascertain compli¬ 
ance with the provisions of this code and other laws that 
are enforced by the department of building safety. 


110.3.8.1 Weather-exposed balcony and walking sur- | | 
face waterproofing. [BSC, DSA-SS, DSA-SS/CC, HCD 

1, HCD 2] Where balconies or other elevated walking | [ 
sutfaces are exposed to water from direct or blowing 
rain, snow or irrigation, and the structural framing is 
protected by an impervious moisture barrier, all ele¬ 
ments of the impervious moisture barrier system shall 
not be concealed until inspected and approved. 

Exception: [BSC, HCD 1, HCD 2] Where special \ \ 
inspections are provided in accordance with Section 
1705.1.1, Item 3. 

Exception: [DSA-SS, DSA-SS/CC] Where special 
inspections are provided in accordance with Section 
1705A. 1.1, Item 3. 

[A] 110.3.9 Special inspections. For special inspections, 
see Chapter 17. 

[A] 110.3.10 Final inspection. The final inspection shall 
be made after all work required by the building permit is 
completed. 

[A] 110.3.10.1 Flood hazard documentation. If 

located in a flood hazard area, documentation of the 
elevation of the lowest floor as required in Section 
1612.5 shall be submitted to the building official prior 
to the final inspection. 

110.3.10.2 [HCD 1 ] Operation and maintenance man¬ 
ual. At the time of final inspection, a manual, compact 
disc, web-basecl reference or other media acceptable to 
the enforcing agency shall be placed in the building in 
accordance with the California Green Building Stan¬ 
dards Code (CALGreen), Chapter 4, Division 4.4. 

[A] 110.4 Inspection agencies. The building official is 
authorized to accept reports of approved inspection agencies, 
provided such agencies satisfy the requirements as to qualifi¬ 
cations and reliability. 

[A] 110.5 Inspection requests. It shall be the duty of the holder 
of the building permit or their duly authorized agent to notify 
the building official when work is ready for inspection. It shall 
be the duty of the permit holder to provide access to and means 
for inspections of such work that are required by this code. 

[A] 110.6 Approval required. Work shall not be done 
beyond the point indicated in each successive inspection 
without first obtaining the approval of the building official. 

The building official, upon notification, shall make the 
requested inspections and shall either indicate the portion of 
the construction that is satisfactory as completed, or notify 
the permit holder or his or her agent wherein the same fails to 
comply with this code. Any portions that do not comply shall 
be corrected and such portion shall not be covered or con¬ 
cealed until authorized by the building official. 

SECTION 111 

CERTIFICATE OF OCCUPANCY 

[A] 111.1 Use and occupancy. A building or structure shall 
not be used or occupied, and a change in the existing use or 
occupancy classification of a building or structure or portion 
thereof shall not be made, until the building official has 
issued a certificate of occupancy therefor as provided herein. 
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Issuance of a certificate of occupancy shall not be construed 
as an approval of a violation of the provisions of this code or 
of other ordinances of the jurisdiction. 

Exception: Certificates of occupancy are not required for 
work exempt from permits in accordance with Section 
105.2. 

[A] 111.2 Certificate issued. After the building official 
inspects the building or structure and finds no violations of 
the provisions of this code or other laws that are enforced by 
the department of building safety, the building official shall 
issue a certificate of occupancy that contains the following: 

1. The building permit number. 

2. The address of the structure. 

3. The name and address of the owner or the owner’s 
authorized agent. 

4. A description of that portion of the structure for which 
the certificate is issued. 

5. A statement that the described portion of the structure 
has been inspected for compliance with the require¬ 
ments of this code for the occupancy and division of 
occupancy and the use for which the proposed occu¬ 
pancy is classified. 

6. The name of the building official. 

7. The edition of the code under which the permit was 
issued. 

8. The use and occupancy, in accordance with the provi¬ 
sions of Chapter 3. 

9. The type of construction as defined in Chapter 6. 

10. The design occupant load. 

11. If an automatic sprinkler system is provided, whether 
the sprinkler system is required. 

12. Any special stipulations and conditions of the build¬ 
ing permit. 

[A] 111.3 Temporary occupancy. The building official is 
authorized to issue a temporary certificate of occupancy 
before the completion of the entire work covered by the per¬ 
mit, provided that such portion or portions shall be occupied 
safely. The building official shall set a time period during 
which the temporary certificate of occupancy is valid. 

[A] 111.4 Revocation. The building official is authorized to, 
in writing, suspend or revoke a certificate of occupancy or 
completion issued under the provisions of this code wherever 
the certificate is issued in error, or on the basis of incorrect 
information supplied, or where it is determined that the build¬ 
ing or structure or portion thereof is in violation of any ordi¬ 
nance or regulation or any of the provisions of this code. 

SECTION 112 
SERVICE UTILITIES 

[A] 112.1 Connection of service utilities. No person shall 
make connections from a utility, source of energy, fuel or 
power to any building or system that is regulated by this code 
for which a permit is required, until released by the building 
official. 

[A] 112.2 Temporary connection. The building official 
shall have the authority to authorize the temporary connec¬ 


tion of the building or system to the utility source of energy, 
fuel or power. 

[A] 112.3 Authority to disconnect service utilities. The 

building official shall have the authority to authorize discon¬ 
nection of utility service to the building, structure or system 
regulated by this code and the referenced codes and standards 
set forth in Section 101.4 in case of emergency where neces¬ 
sary to eliminate an immediate hazard to life or property or 
where such utility connection has been made without the 
approval required by Section 112.1 or 112.2. The building 
official shall notify the serving utility, and wherever possible 
the owner and occupant of the building, structure or service 
system of the decision to disconnect prior to taking such 
action. If not notified prior to disconnecting, the owner or 
occupant of the building, structure or service system shall be 
notified in writing, as soon as practical thereafter. 

SECTION 113 
BOARD OF APPEALS 

[A] 113.1 General. In order to hear and decide appeals of 
orders, decisions or determinations made by the building offi¬ 
cial relative to the application and interpretation of this code, 
there shall be and is hereby created a board of appeals. The 
board of appeals shall be appointed by the applicable govern¬ 
ing authority and shall hold office at its pleasure. The board 
shall adopt rules of procedure for conducting its business. 

[A] 113.2 Limitations on authority. An application for 
appeal shall be based on a claim that the true intent of this 
code or the rules legally adopted thereunder have been incor¬ 
rectly interpreted, the provisions of this code do not fully 
apply or an equally good or better form of construction is pro¬ 
posed. The board shall have no authority to waive require¬ 
ments of this code. 

[A] 113.3 Qualifications. The board of appeals shall consist 
of members who are qualified by experience and training to 
pass on matters pertaining to building construction and are 
not employees of the jurisdiction. 

SECTION 114 
VIOLATIONS 

[A] 114.1 Unlawful acts. It shall be unlawful for any person, 
firm or corporation to erect, construct, alter, extend, repair, 
move, remove, demolish or occupy any building, structure or 
equipment regulated by this code, or cause same to be done, in 
conflict with or in violation of any of the provisions of this code. 

[A] 114.2 Notice of violation. The building official is autho¬ 
rized to serve a notice of violation or order on the person 
responsible for the erection, construction, alteration, exten¬ 
sion, repair, moving, removal, demolition or occupancy of a 
building or structure in violation of the provisions of this 
code, or in violation of a permit or certificate issued under the 
provisions of this code. Such order shall direct the discontinu¬ 
ance of the illegal action or condition and the abatement of 
the violation. 

[A] 114.3 Prosecution of violation. If the notice of violation 
is not complied with promptly, the building official is autho¬ 
rized to request the legal counsel of the jurisdiction to insti- 
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California Building Code 

Title 24, Part 2, California Code of Regulations (CCR) 


HISTORY: 

For prior code history, see the History Note Appendix to the 
California Building Code 2013 Triennial Edition, effective 
January 1, 2014. 

1. (BSC 05/15, SFM 06/15, DSA-AC 01/15, DSA-SS 02/ 
15, HCD 03/15, OSHPD 02/15 & 04/15, SLC 01/15) - 
Adopt the 2015 edition of the International Building 
Code published by the International Code Council, for 
incorporation into the 2016 California Building Code, 
CCR Title 24, Part 2 with amendments for State regu¬ 
lated occupancies, effective on January 1, 2017. 

2. Errata to correct editorial errors throughout the code. 
Effective January 1, 2017. 

3. Rulemaking file numbers BSC EF 01-17, HCD EF 01- 
17: Emergency regulations amend Sections 107.2.7, 
110.3.8.1, Table 1607.1, 2304.12.2.5, and 2304.12.2.6. 
Approved as an emergency on January 27, 2017, effec¬ 
tive upon filing with Secretary of State on January 30, 
2017. 

4. Rulemaking file number DSA-SS/CC EF 01-17: Emer¬ 
gency regulations amend Sections 1.9.2.1.1, 1.9.2.2.1, 

107.2.7, "ll0.3.8.1, 1616.5.1.2 - 1616.5.1.5, Table 
1607A.1, 2304.12.2.5, and 2304.12.2.6 approved as an 
emergency on January 27, 2017, effective upon filing 
with Secretary of State on January 30, 2017. 

5. Errata to correct editorial errors throughout the code. 
Effective September 1, 2017. 

6. 2016 Intervening Cycle update; BSCC 01/16, CDPH 
01/16, DSA-SS 02/16, OSHPD 02/16, SFM 01/16 - 
Approved by the California Building Standards Com¬ 
mission on August 14, 2017. Published on January 1, 
2018 and effective July 1, 2018. 

7. 2016 Intervening Cycle update; DSA-AC 01/16 - 
Approved by the California Building Standards Com¬ 
mission on October 17, 2017. Published on January 1, 
2018 and effective July 1, 2018. 

8. Rulemaking file numbers BSC EF 01-17, HCD EF 01- 
17: Emergency regulations amend Sections 107.2.7, 
110.3.8.1, Table 1607.1, Section 2304.12.2.5, and Sec¬ 
tion 2304.12.2.6. The supplement provides emergency 
building standards that were made permanent pursuant 
to Government Code Sections 11346.2 to 11347.3 
adopted by the California Building Standards Commis¬ 
sion on December 12, 2017, effective upon filing with 
Secretary of State on December 13, 2017. 

9. Rulemaking file number DSA-SS/CC EF 01-17: Emer¬ 
gency regulations amend Sections 1.9.2.1.1, 1.9.2.2.1, 

107.2.7, 110.3.8.1, 1616.5.1.2-1616.5.1.5, Table 1607A.1, 
Section 2304.12.2.5, and Section 2304.12.2.6. The sup¬ 


plement provides emergency building standards that 
were made permanent pursuant to Government Code 
Sections 11346.2 to 11347.3 adopted by the California 
Building Standards Commission on December 12, 
2017, effective upon filing with Secretary of State on 
December 13, 2017. Only the amended sections, resulting 
from change during the certification process are published 
in this supplement. 
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SIGNIFICANT CHANGES TO THE CALIFORNIA CODES, 2016 EDITIONS 

In the fast-paced world of construction, it is critical to have a 
solid understanding of the latest updates to the California Codes. 
This series of full-color, illustrated guides will help you gain a 
clear knowledge of the code itself, what areas have been 
updated,how they have been revised, and the rationale behind 
those changes. 

Each easy-to-use resource focuses on provisions that have special 
significance, are utilized frequently, or have had a change in 
application between the 2013 and 2016 editions. Each change 
is accompanied by a photograph, real-world application example, 
table or illustration to assist and enhance readers’ understanding. 
With a summary and discussion of the impact of these changes, 
each guide’s coverage is complete, making it the perfect tool for 
transitioning from the 2013 to 2016 editions. 

FEATURES: 

• a full-color photograph, table or example illustrates each change 

• detailed table of contents, part summaries and change summaries 

• clear notation of deleted code language and new code text 

• logical organization that follows the layout of the code 

SIGNIFICANT CHANGES TO THE CALIFORNIA BUILDING CODE, 2016 
SOFT COVER #5521S16 I PDF DOWNLOAD #8950P733 

SIGNIFICANT CHANGES TO THE CALIFORNIA RESIDENTIAL CODE, 2016 

SOFT COVER #5526S16 I PDF DOWNLOAD #8950P734 

SIGNIFICANT CHANGES TO THE CALIFORNIA FIRE CODE, 2016 
SOFT COVER #5592S16 I PDF DOWNLOAD #8950P735 


Order your Significant Changes guides today! 
1-800-786-4452 I www.iccsafe.org/books 
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People Helping People Build a Safer World* 


Cal DAG™ 2017 

California Disabled Accessibility Guidebook 


Understanding the latest California accessibility provisions is made easier with this 
newly updated bestseller. CalDAG is the only book combining and cross-referencing 
the 2016 California Building Code (CBC) regulations with federal 2010 ADA/ADAS 
requirements! 

This comprehensive, detailed and user-friendly resource features: 

• More than 250 superb illustrations 

• Valuable flowcharts breaking down compliance procedures 

• Applicable CBC and ADA/ADAS section numbers for easy reference 

• Easy-to-follow checklist format perfect for survey, inspection, or design 

• Selected California statutes regarding disabled accessibility compliance 

This is a valuable reference for contractors, architects, inspectors, attorneys, and anyone 
working with the accessibility provisions of the CBC and ADA/ADAS. (566 pages) 
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2015 International Building Code 
Illustrated Handbook 

An easy-to-use visual guide to the 
2015 IBC® 
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s Bonus features online 
s Expanded topics 
s 500+ color illustrations 
s New 7.5” x 9.5” format 


Handbook 

DOUGLAS W. THORNBURG, AIA 
JOHN R. HENRY, P.E. 


-gj 

Thoroughly revised to reflect the 2015 IBC, this full-color guide 
makes it easy to understand and apply complex IBC provisions and 
achieve compliance. With an emphasis on structural and fire- and 
life-safety requirements by code experts Douglas W. Thornburg, 
AIA, and John R. Henry, P.E., this practical resource has been designed to save time and money. The Handbook 
provides all the information you need to get construction jobs done right, on time, and up to the requirements of 
the 2015 IBC. Access to a suite of online bonus features is included. (992 pages) 
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